Septic System Sizing Charts for Trench, Chamber, or Seepage Pit Disposai 

Use the charts below to complete the Design Worksheet. 


SELECTING THE PROPER SIZE SYSTEM 



Minimum Septic Tank Size 

System Daily Design Flow 

No. of Bedrooms* 

Fixture Unit Count 

(gallons) 

(gallons per day) 

1 

7 or less 

1000 

150 


more than 7 

1000 

300 

2 

14 or less 

1000 

300 


more than 14 

1000 

450 

3 

21 or less 

1000 

450 


more than 21 

1250 

600 

4 

28 or less 

1250 

600 


more than 28 

1500 

750 

5 

35 or less 

1500 

750 


more than 35 

2000 

900 

6 

42 or less 

2000 

900 


more than 42 

2500 

1050 

7 

49 or less 

2500 

1050 


more than 49 

3000 

1200 

8 

56 or less 

3000 

1200 


more than 56 

3000 

1350 


*For a single residence with more than 8 bedrooms, use the following formulas to determine the septic tank size 
and the daily design flow. Use the greater of the two results for the Design Flow and Tank Size. 


Daily Design Flow : multiply the number of bedrooms by 150 OR multiply the fixture unit count by 25 (use 
the greater of the two daily design flow calculations for the design of the system). 

Septic Tank Size : multiply the number of bedrooms by 150, then multiply the total by 2.1 OR multiply 
the fixture unit count by 25, then multiply the total by 2.1. 

Obtain the Percolation Rate or Soil Absorption Rate (SAR) from the soils report. Using the SAR and the Design 
Flow from the above chart, determine the Required Square Footage of Disposal Area from the chart below. 

Design Fiow (GPD) -r SAR (GPD/SQFT) = Required Square Footage of Disposai Area 

Exampie: 600 0.6 = 1000 SOFT 


Disposai Area Caicuiation Tabie (Trench, Chamber, Seepage Pit) 


Design Flow (GPD) 

450 

600 

750 

900 

1050 

1200 

1350 

Perc Rate 
(min/inch) 

SAR 

(gpd/sqft) 

Required Square Footage of Disposal Area 

<1 

not ALLOWED FOR CONVENTIONAL DISPOSAL | 

1 to <3 

1.2 

375 

500 

625 

750 

875 

1000 

1125 

3 

1.1 

409 

545 

682 

818 

955 

1091 

1227 

4 

1.0 

450 

600 

750 

900 

1050 

1200 

1350 

5 

0.90 

500 

667 

833 

1000 

1167 

1333 

1500 


0.80 

563 

750 

938 

1125 

1313 

1500 

1688 

7 

0.75 

600 

800 

1000 

1200 

1400 

1600 

1800 

10 

0.63 

714 

952 

1190 

1429 

1667 

1905 

2143 


0.60 

750 

1000 

1250 

1500 

1750 

2000 

2250 

15 

0.50 

900 

1200 

1500 

1800 

2100 

2400 

2700 

20 

0.44 

1023 

1364 

1705 

2045 

2386 

2727 


25 

0.40 

1125 

1500 

1875 

2250 

2625 

3000 

3375 

30 

0.36 

1250 

1667 

2083 

2500 

2917 

3333 

3750 

35 

0.33 

1364 

1818 

2273 

2727 

3182 

3636 

4091 

40 

0.31 

1452 

1935 

2419 

2903 

3387 

3871 

4355 

45 

0.29 

1552 

2069 

2586 

3103 

3621 

4138 

4655 

50 

0.28 

1607 

2143 

2679 

3214 

3750 

4286 

4821 

55 

0.27 

1667 

2222 

2778 

3333 

3889 

4444 

5000 

55 to<60 

0.25 

1800 

2400 

3000 

3600 

4200 

4800 

5400 

60 to<120 

0.20 

2250 

3000 

3750 

4500 

5250 

6000 

6750 
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